Bancrott 

One world. For everyone 


February 1,2017 

Bancroft School 
425 Kings HWY East 
Haddonfield NJ, 08033 

Dear Bancroft School Community, 

The Bancroft School is committed to protecting the health of our students, teachers, and staff. To protect our 
community and be in compliance with New Jersey Department of Education regulations, the Bancroft School 
tested our school’s drinking water for lead. 

Following technical guidance provided by the New Jersey Department of Environmental Protection, we 
identified and tested all drinking water and food preparation outlets at the Bancroft School. Of the 120 
samples taken, only three tested above the lead action level established by the EPA, which is 15 pg/1 ([ppb). 

The table below identifies the (three drinking water outlets) that tested above acceptable lead action levels. The 
table also identifies the actual lead levels at each location and what temporary remedial action the Bancroft 
School has taken to reduce the levels of lead at these locations. The Bancroft School is especially encouraging 
anyone who was pregnant or has a child under the age of six who may have drank water from any of these 
outlets, to get tested immediately. 


Location 

First Draw 
Result in p.g/i 
(ppb) 

Flushed Result in 
pg/1 (ppb) 

Remedial Action 

Cooley Hall Room # 64 

21.48 


Discoimected outlet and shutting off 
water permanently 

BTS Old kitchen, 2"^ floor of 

Bancroft Hall 

16.0 


Disconnected outlet and shutting off 
water permanently 


Sweet Success Dish sinks 

85.6 


Replace the faucet, the shut off valve 
and installing an in-line lead water 
filter. Posted a “Do not Drink- Safe 
for Hand washing only” sign 

Bancroft Hall 

Men’s Bathroom sink 

20.5 


Posted a “Do not Drink- Safe for 
Hand washing only” sign. Re-tested 
the outlet on 12/29/2016, it is below 
the EPA action level. 

Mail room Ladies 
Bathroom 


(im 

Posted a “Do not Drink- Safe for 
Hand washing only” sign.(Re-tested) 
(the outlet on 12/29/2016, it is below) 
(the EPA action level.) 

Mail room Men’s 
Bathroom 


(5.81) 

Posted a “Do not Drink- Safe for 
Hand washing only” siEji.(Re-tested) 


the putlet_pn_l2/29/2016, it is below, 
(the EPA action level.) 

Cooley Hall Girls 

27.2 


Posted a “Do not Drink- Safe for 



































Bathroom 



Hand washing only” sign. Re-tested 
the outlet on 12/29/2016, it is below 
the EPA action level. 

Cooley Hall Girls 
Bathroom 2 

185 


Posted a “Do not Drink- Safe for 
Hand washing only” sign. Re-tested 
the outlet on 12/29/2016, it is below 
the EPA action level. 

Cooley Hall Room #54 

17.7 


Posted a “Do not Drink- Safe for 
Hand washing only” sign. Re-tested 
the outlet on 12/29/2016, it is below 
the EPA action level. 

Cooley Hall Room # 56 


(18.5) 

Posted a “Do not Drink- Safe for 
Hand washing only” sign.(Re-tested) 
(the outlet on 12/29/2016, it is belo^ 

(the EPA action level.) 


A (copaf of the test results are available in our School Business Manar’s office) for your inspection and can be 
viewed between the hours of 7:30 a.m. and 3:30 p.m., Monday - Friday. 


If you have any questions about the content of this letter, please contact Taiwo Odubote, School Business 
Manager at (856)524-7226 or email: emmanuel.odubote@bancroft.org 

We look forward to continuing to provide a safe and healthy environment for our students, teachers, and staff 
at the Bancroft school. 

Sir^epew, 

tmmanuel Odubote 
School/Business Manager. 

Ths Bancroft School In HaddonfleM 

Bancrolt a New Jer:^ Mun PioH! (;i>{porri' i • 425 Kings Highway East. P.O Box 20 ■ Haddonlield. NJ 0S033-0018 • bancroft-org 
P 856 524 7322 • F 856 429 4723 • TTY 856 428 2967 


















Preparing students for life beyond the classroom 

Accredited by NCASES and Middle States Association 

Dear Parents/Guardians and Staff, March 22* 2017 

1 hope this letter finds you and your family well and enjoying the first days of spring. The Phoenix Center is 
committed to protecting student, teacher and staff health. As you may recall, I last wrote to you in February to 
inform you that we scheduled to have our school’s drinking water outlets tested for lead. I am writing to you 
today to share those results with you. 

Following instructions given in technical guidance developed by the New Jersey Department of Environmental 
Protection, we completed a plumbing profile for The Phoenix Center. Through this effort, we identified and 
tested all drinking water and food preparation outlets. Of the 21 samples taken, all but four tested below the lead 
action level established by the US Environmental Protection Agency for lead in drinking water (15 pg/1 [ppb]). 

In accordance with the Department of Education regulations, we implemented immediate remedial measures for 
any drinking water outlet with a result greater than the action level of 15 pg/1 (parts per billion [ppb]). This 
includes turning off the outlet unless it is determined the location must remain on for non-drinking purposes. In 
these cases, a “Do Not Drink - Safe for Flandwashing Only” sign will be posted. All of our students and staff 
have access to water coolers that are positioned throughout the school. 

The table below identifies the drinking water outlets that tested above the 15 pg/1 for lead, the actual lead level, 
and what temporary remedial action The Phoenix Center has taken to reduce the levels of lead at these locations. 
It is noted that although the four first draw sample results were above 15 ppb; the associated flush samples results 
were below 15 ppb. This indicates the source of lead is related to the fixtures themselves, not in the main building 
plumbing. In the upcoming weeks and based on the recommendations made to us, we will be working on a 
solution to maintain a reduced lead level in these areas and will conduct follow up testing. 



Sample Eocation 

First Draw Result is pg/1 (ppb) 

Remedial Action 

Basement Water Fountain 

29.6 

Disconnected outlet (Added additional 
water coolers throughout the school) 

P‘ Floor Water Fountain 

16.3 

Disconnected outlet (Added additional 
water coolers throughout the school) 

2"'* Floor Water Fountain 

35.2 

Disconnected outlet (Added additional 
water coolers throughout the school) 

2"'* Floor Room 212 Bathroom 
Faucet 

64.8 

Posted signage “Do Not Drink - Safe for 
Flandwashing Only” 


A copy of the test results is available in our main office for inspection by the public, including students, teachers, 
other school personnel, and parents, and can be viewed between the hours of 8:30 a.m. and 3:00 p.m. and are also 
available on our website at www.thephoneixcentemj.org. For more information about water quality in our school, 
contact Andrew Schuck, Assistant Principal at 973-542-0743 extension 405. 


We appreciate your continued partnership and support. Thank you for your kind consideration of this important 
matter. 



Jul^e Mower,IM.A.Ed. 
Executive Director 


16 Monsignor Owens Place • Nutley, NJ 07110 


Established 1991 


973.542.0743 • www.thephoenixcenternj.org 














Preparing students for life beyond the classroom 

Accredited by NCASES and Middle States Association 


Estimados Padres/Tutores y Personal, 


22 de marzo de 2017 


Espero que usted y su familia se encuentren bien y a disfrutar los primeros dlas de la primavera. El Phoenix 
Center se compromete a proteger la salud de nuestros estudiantes y flincionarios. Como debe recordarse, le escribi 
en febrero para informarle que teniamos previsto la recoja de muestras de agua potable en nuestra escuela para 
determinar la existencia de plomo. Me dirijo a ustedes hoy para compartir los resultados. 

Siguiendo las instrucciones dadas en la guia tecnica desarrollada por el Departamento de Proteccion Ambiental de 
New Jersey, completamos un piano de la plomeria del Phoenix Center. A traves de este esfuerzo, se identificaron 
y probaron todas las fuentes de agua potable para beber y preparacion de alimentos. De las 21 muestras, todos 
menos cuatro probaran estar por debajo del nivel de intervencion establecido por la Agenda de los Estados 
Unidos de Proteccion Ambiental, para la existencia de plomo en agua potable (15 pg/1 [ppb]). 

De acuerdo con las regulaciones del Departamento de Educacion, hemos implementado inmediatas medidas 
correctivas para cualquier fuente de agua potable con un resultado mayor que el nivel de accion de 15 pg/1 (partes 
por billon [ppb]). Estas incluyeran la desactivacion del grifo a menos que se determine que la ubicacion debe 
permanecer activa para uso de agua no potable. En estos casos, sera fijada una sehal de "No beber - Seguro Para 
Lavarse Las Manos Solamente". Todos nuestros estudiantes y el personal tienen acceso a enfriadores de agua que 
estan situados por toda la escuela. 

La siguiente tabla identifica las salidas de agua potable que han probado niveles de plomo por encima de los 15 
pg/1, el nivel real y que accion correctiva temporal el Phoenix Center ha tornado para reducir los niveles de plomo 
en estos lugares. Cabe senalar que aunque las cuatro primeras muestras tuvieran resultados por encima de 15 ppb; 
muestras tomadas con la agua corriendo tuvieran resultados por debajo de 15 ppb. Esto indica que la fuente de 
plomo esta relacionada con los grifos, no con las tuberias del edificio principal. En las proximas semanas y 
basado en las recomendaciones recibidas, vamos a trabajar en una solucion para mantener un nivel de plomo 
reducido en estas areas y realizar inspecciones de seguimiento. 


Localizacion de la muestra 

Resultado de la muestra inicial 
pg/1 (ppb) 

Medida temporaria 

Fuente de agua en el sotano 

29.6 

Grifo desconectado (Enfriadores de agua 
adicionales anadidos a lo largo de la escuela) 

Fuente de agua en el primer piso 

16.3 

Grifo desconectado (Enfriadores de agua 
adicionales anadidos a lo largo de la escuela) 

Fuente de agua del segundo piso 

35.2 

Grifo desconectado (Enfriadores de agua 
adicionales anadidos a lo largo de la escuela) 

Segundo piso, sala 212, grifo del 
cuarto de bano 

64.8 

fijado una senal de "No beber - Seguro Para 
Lavarse Las Manos Solamente" 


Una copia de los resultados de la prueba esta disponible en nuestra oficina principal para la inspeccion por el 
publico, incluyendo estudiantes, profesores, personal de la escuela y los padres. Los resultados puede ser 
consultados entre las 8:30 de la manana a las 3:00 de la tarde y tambien estan disponibles el nuestro sitio web en 
www.thephoneixcentemj.org. Para obtener mas informacion acerca de la calidad del agua en nuestra escuela, por 
favor contacte Andrew Schuck, Subdirector, en 973-542-0743, extension 405. 

Agradecemos su constante colaboracion y apoyo. Gracias por su amable consideracion a este asunto tan 
importante. 



16 Monsignor Owens Place • Nutley, NJ 07110 


Established 1991 


973.542.0743 • www.thephoenixcenternj.org 













;^OMEGA 

Lead in Potable Water Screening Report 


INVESTIGATION FOR: Steve Belloise 

Archdiocese of Newark 
171 Clifton Avenue 
P.O Box 9500 
Newark, NJ 07104 


SITE INVESTIGATED; St. Mary/ Phoenix Center 

17 Monsignor Owens Place 
Nutley, NJ07110 


ASSESSMENT BY: Curtis St Louis 

Omega Environmental Services, Inc. 

280 Huyler Street 

South Hackensack, NJ 07606 

INVESTIGATION 

CONDUCTED: 2/21/17 


DATE OF REPORT: 3/16/17 


(Omega Project # 16-26066) 
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EXECUTIVE SUMMARY: 


The Archdiocese of Newark requested lead in water testing of potable water outlets at St. Mary/ 
Phoenix Center, 17 Monsignor Owens Place, Nutley, NJ 07110. 

Previous Testing 

No information related to previous testing was available. 

Recent Testing (2/21/17) 

In order to assess the building water outlets a full testing of all potable outlets was performed on 
February 21, 2017. 

Reportedly the outlets were not flushed or used on the day of testing. 

First draw and flush samples (30 second) were collected of 21 water fountains and sink s . 

Results of most first draw samples analyzed were below the Uead and Copper Rule action 
level of 15 ppb. Four first draw samples were above 15 ppb. The associated flush samples 
were below 15 ppb. 

See Section 3 Discussion of Results 
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RESULTS TABLE 


Sample # 

Location 

1®‘ draw 
(ED) or 
flush 
(EL) 

Results 

(ppb) 

LCR 

Action 

Level 

(ppb) 

1 

Dorm Room Sub Basement Bathroom Faucet 

FD 

4.6 

15 

2 

Dorm Room Sub Basement Bathroom Faucet 

FL 

N/A 

15 

3 

Basement Boys Bathroom Faucet #1 

FD 

1.8 

15 

4 

Basement Boys Bathroom Faucet #1 

FL 

N/A 

15 

5 

Basement Boys Bathroom Faucet #2 

FD 

2.6 

15 

6 

Basement Boys Bathroom Faucet #2 

FL 

N/A 

15 

7 

Basement Boys Bathroom Faucet #3 

FD 

1.6 

15 

8 

Basement Boys Bathroom Faucet #3 

FL 

N/A 

15 

9 

Basement Boys Bathroom Faucet #4 

FD 

1.4 

15 

10 

Basement Boys Bathroom Faucet #4 

FL 

N/A 

15 

11 

Sub-Basement Girls Bathroom Water Fountain 

FD 

1.7 

15 

12 

Sub-Basement Girls Bathroom Water Fountain 

FL 

N/A 

15 

13 

Sub-Basement Boys Bathroom Water Fountain 

FD 

2.5 

15 

14 

Sub-Basement Girls Bathroom Water Fountain 

FL 

N/A 

15 

15 

Sub-Basement Kitchen Faucet 

FD 

2.6 

15 

16 

Sub-Basement Kitchen Faucet 

FL 

N/A 

15 

17 

Basement Water Fountain #1 

FD 

29.6 

15 

18 

Basement Water Fountain #1 

FL 

3.6 

15 

19 

Basement Girls Bathroom Faucet #1 

FD 

<1.0 

15 

20 

Basement Girls Bathroom Faucet #1 

FL 

N/A 

15 

21 

Basement Girls Bathroom Faucet #2 

FD 

1.3 

15 

22 

Basement Girls Bathroom Faucet #2 

FL 

N/A 

15 

23 

Basement Girls Bathroom Faucet #3 

FD 

2.3 

15 

24 

Basement Girls Bathroom Faucet #3 

FL 

N/A 

15 

25 

Basement Girls Bathroom Faucet #4 

FD 

2.4 

15 

26 

Basement Girls Bathroom Faucet #4 

FL 

N/A 

15 

27 

Basement Teaching Kitchen Faucet 

FD 

<1.0 

15 

28 

Basement Teaching Kitchen Faucet 

FL 

N/A 

15 

29 

Floor Room 102 Bathroom Faucet 

FD 

1.1 

15 

30 

P' Floor Room 102 Bathroom Faucet 

FL 

N/A 

15 

31 

P‘ Floor Nurse’s Room Sink 

FD 

1.8 

15 

32 

P‘ Floor Nurse’s Room Sink 

FL 

N/A 

15 

33 

P' Floor Handicap Bathroom Faucet 

FD 

<1.0 

15 

34 

P‘ Floor Handicap Bathroom Faucet 

FL 

N/A 

15 

35 

P‘ Floor Left Side Bathroom Faucet 

FD 

<1.0 

15 

36 

P‘ Floor Left Side Bathroom Faucet 

FL 

N/A 

15 

37 

P‘ Floor Water Fountain 

FD 

16.3 

15 

38 

P' Floor Water Fountain 

FL 

2.0 

15 

39 

2"'* Floor Water Fountain 

FD 

35.2 

15 

40 

2"'* Floor Water Fountain 

FL 

3.6 

15 
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41 

2"'* Floor Room 212 Bathroom Faucet 

FD 

64.8 

15 

42 

2"'* Floor Room 212 Bathroom Faucet 

FL 

11.8 

15 


EPA Lead in Copper Rule (1991) Action Level for water suppliers (municipalities and private wells) and March 
2016 Newark Public Schools Lead Water Testing Sampling Plan. 

FD - First Draw Sample 
FL - Flush Sample (30 sec) 

NA - Not Analyzed 

2 SAMPLING METHODOLOGY: 

First Draw Samples - Without allowing any water to spill until sample eollection, samples were 
collected with a relatively slow flow rate in 250 mL bottles prepared with Nitric Acid (HNO 3 ) as 
a preservative. 

Flush Samples - After collection of first draw samples the water was allowed to flow at a 
relatively slow rate for thirty second to flush the fixture and close piping. The flush samples are 
intended to test the plumbing further upstream from the fixture (behind walls). 

The samples were packaged in a cooler and shipped to Pace Analytical, Melville, NY for total 
lead in potable water analysis (method E200.8 IOC). 

3 DISCUSSION OF RESULTS: 


Four first draw sample results were above 15 ppb, but the associated flush samples results 
were below 15 ppb. This indicates the source of lead is related to the fixtures themselves, 
not in the main building plumbing. 

4 RECOMMENDATIONS: 

Short term: 

• Take any outlets with elevated results out of service. 

• Conduct further evaluation and testing of outlets with elevated results. 

Long Term: 

• If additional testing shows similar results (first draw results above 15 ppb) consider 
replacing the spout of the fountains (may contain brass, adding to lead levels), installing 
filters (if practical), or fixture replacement. 

• Repeat full building testing on an annual basis. Generally this should be performed in 
August prior to the start of the school season. 

• Develop a Lead in Water Management Plan in accordance with the 2006 EPA 3Ts for 
Reducing Lead in Drinking Water in Schools. 
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A. Lead in Water Laboratory Reports 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


March 06, 2017 


Geiser Fajardo 

Omega Environmental Services 

280 Huyler Street 

South Hackensack, NJ 07606 


RE: Project: Arch of Newark/St Nancy Phx ct 
Pace Project No.: 7012117 


Dear Geiser Fajardo: 

Enclosed are the analytical results for sample(s) received by the laboratory on February 24, 2017. 
The results relate only to the samples included in this report. Results reported herein conform to the 
most current, applicable TNI/NELAC standards and the laboratory's Quality Assurance Manual, 
where applicable, unless otherwise noted in the body of the report. 


Samples, in the electronic data deliverable (EDD) that accompanied this report, were flagged yellow 
if they exceeded the NYSDOH 15 ppb action level. 


If you have any questions concerning this report, please feel free to contact me. 


Sincerely, 


Elizabeth Harrison 
betty.harrison@pacelabs.com 
(631)694-3040 
Project Manager 


Enclosures 


cc: David Ekstrand, Omega Environmental Services 
Michael Levay, Omega Environmental Services 
Emma Moody, Omega Environmental Services 
Ray, Omega Environmental Services 
Lab Reports, Omega Environmental Services 
Reports 



REPORT OF LABORATORY ANALYSIS 

This report shall not be reproduced, except in full, 
without the written consent of Pace Analytical Services, LLC. 


Page 1 of 17 



weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


CERTIFICATIONS 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 


Long Island Certification IDs 

575 Broad Hollow Rd, Melville, NY 11747 Maryland Certification #: 208 

New York Certification #: 10478 Primary Accrediting Body Rhode Island Certification #: LA000340 

New Jersey Certification #: NY158 Massachusetts Certification #: M-NY026 

Pennsylvania Certification #: 68-00350 New Hampshire Certification #: 2987 

Connecticut Certification #: PH-0435 


REPORT OF LABORATORY ANALYSIS 


This report shall not be reproduced, except In full, 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


SAMPLE SUMMARY 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 

Lab ID Sample ID Matrix Date Collected Date Received 


7012117001 

01-DOAME ROOM SUB BSMT BF- 
FD 

7012117003 

03-BSMT BOY BTHRM FAUCET 
#1-FD 

7012117005 

05-BSMT BOY BTHRM FAUCET#2- 
FD 

7012117007 

07-BSMT BOY BTHRM FAUCET#3- 
FD 

7012117009 

09-BSMT BOY BTHRM FAUCET#4- 
FD 

7012117011 

11-SUBSBMT GIRLS BTHRM WF- 
FD 

7012117013 

13-SUB BSMT BOYS BTHRM WF- 
FD 

7012117015 

15-SUB BSMT KITCHEN FAUCET- 
FD 

7012117017 

17-BSMT WF #1-FD 

7012117019 

19-BSMT GIRL BTHRM FAUCT 1- 
FD 

7012117021 

21-BSMT GIRL BTHRM FAUCET 2- 
FD 

7012117023 

23-BSMT GIRL BTHRM FAUCET 3- 
FD 

7012117025 

25-BSMT GIRL BTHRM FAUCET 4- 
FD 

7012117027 

27-BSMT TEACHING KTCHN FCT- 
FD 

7012117029 

29-1 ST FL ROOM 102 BF-FD 

7012117031 

31-1ST FL NURSE'S ROOM SINK- 
FD 

7012117033 

33-1 ST FL HANDICAP BF-FD 

7012117035 

35-1 ST FL LEFTSIDE BTHRM BF- 
FD 

7012117037 

37-1 ST FLOOR WF-FD 

7012117039 

39-2ND FLOOR WF-FD 

7012117041 

41-2ND FLOOR ROOM 212 BF-FD 


Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 

Drinking 

Water 

02/21/17 09:30 

02/24/17 

09:45 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


SAMPLE ANALYTE COUNT 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 


Analytes 


Lab ID 

Sample ID 

Method 

Analysts 

Reported 

Laboratory 

7012117001 

01-DOAME ROOM SUB BSMT BF-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117003 

03-BSMT BOY BTHRM FAUCET #1-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117005 

05-BSMT BOY BTHRM FAUCET#2-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117007 

07-BSMT BOY BTHRM FAUCET#3-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117009 

09-BSMT BOY BTHRM FAUCET#4-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117011 

11-SUBSBMT GIRLS BTHRM WF-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117013 

13-SUB BSMT BOYS BTHRM WF-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117015 

15-SUB BSMT KITCHEN FAUCET-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117017 

17-BSMT WF #1-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117019 

19-BSMT GIRL BTHRM FAUCT 1-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117021 

21-BSMT GIRL BTHRM FAUCET 2-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117023 

23-BSMT GIRL BTHRM FAUCET 3-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117025 

25-BSMT GIRL BTHRM FAUCET 4-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117027 

27-BSMT TEACHING KTCHN FCT-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117029 

29-1 ST FL ROOM 102 BF-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117031 

31-1ST FL NURSE'S ROOM SINK-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117033 

33-1 ST FL HANDICAP BF-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117035 

35-1 ST FL LEFTSIDE BTHRM BF-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117037 

37-1 ST FLOOR WF-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117039 

39-2ND FLOOR WF-FD 

EPA 200.8 

CAM 

1 

PACE-MV 

7012117041 

41-2ND FLOOR ROOM 212 BF-FD 

EPA 200.8 

CAM 

1 

PACE-MV 


REPORT OF LABORATORY ANALYSIS 

This report shall not be reproduced, except in full, 

without the written consent of Pace Analytical Services, LLC. Page 4 of 17 





weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


ANALYTICAL RESULTS 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 


Sample: 01-DOAME ROOM SUB 
BSMT BF-FD 

Lab ID: 7012117001 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

4.6 ug/L 

1.0 

1 


03/02/17 22:08 7439-92-1 

Sample: 03-BSMT BOY BTHRM 
FAUCET #1-FD 

Lab ID: 7012117003 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

1.8 ug/L 

1.0 

1 


03/02/17 22:11 7439-92-1 

Sample: 05-BSMT BOY BTHRM 
FAUCET#2-FD 

Lab ID: 7012117005 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

2.6 ug/L 

1.0 

1 


03/02/17 22:14 7439-92-1 

Sample: 07-BSMT BOY BTHRM 
FAUCET#3-FD 

Lab ID: 7012117007 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

1.6 ug/L 

1.0 

1 


03/02/17 22:17 7439-92-1 

Sample: 09-BSMT BOY BTHRM 
FAUCET#4-FD 

Lab ID: 7012117009 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

1.4 ug/L 

1.0 

1 


03/02/17 22:20 7439-92-1 

Sample: 11-SUBSBMT GIRLS 
BTHRM WF-FD 

Lab ID: 7012117011 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 


200.8 MET ICPMS Drinking Water Analytical Method: EPA 200.8 

Lead 1.7 ug/L 1.0 1 03/02/17 22:23 7439-92-1 


REPORT OF LABORATORY ANALYSIS 


Date: 03/06/2017 03:10 PM 


This report shall not be reproduced, except in full, 
without the written consent of Pace Analytical Services, LLC. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


ANALYTICAL RESULTS 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 


Sample: 13-SUB BSMT BOYS 
BTHRM WF-FD 

Lab ID: 7012117013 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

2.5 ug/L 

1.0 

1 


03/02/17 22:26 7439-92-1 

Sample: 15-SUB BSMT KITCHEN 
FAUCET-FD 

Lab ID: 7012117015 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

2.6 ug/L 

1.0 

1 


03/02/17 22:34 7439-92-1 

Sample: 17-BSMT WF #1-FD 

Lab ID: 7012117017 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

29.6 ug/L 

1.0 

1 


03/02/17 22:37 7439-92-1 

Sample: 19-BSMT GIRL BTHRM 
FAUCT1-FD 

Lab ID: 7012117019 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

<1.0 ug/L 

1.0 

1 


03/02/17 22:46 7439-92-1 

Sample: 21-BSMT GIRL BTHRM 
FAUCET 2-FD 

Lab ID: 7012117021 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 





Lead 

1.3 ug/L 

1.0 

1 


03/02/17 22:49 7439-92-1 

Sample: 23-BSMT GIRL BTHRM 
FAUCET 3-FD 

Lab ID: 7012117023 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 

Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 


200.8 MET ICPMS Drinking Water Analytical Method: EPA 200.8 

Lead 2.3 ug/L 1.0 1 03/02/17 22:52 7439-92-1 


REPORT OF LABORATORY ANALYSIS 


Date: 03/06/2017 03:10 PM 


This report shall not be reproduced, except in full, 
without the written consent of Pace Analytical Services, LLC. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


ANALYTICAL RESULTS 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 


Sample: 25-BSMT GIRL BTHRM 
FAUCET 4-FD 

Lab ID: 7012117025 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 






Lead 

2.4 ug/L 


1.0 

1 


03/02/17 22:55 7439-92-1 

Sample: 27-BSMT TEACHING 

KTCHN FCT-FD 

Lab ID: 7012117027 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 






Lead 

<1.0 ug/L 


1.0 

1 


03/02/17 22:58 7439-92-1 

Sample: 29-1 ST FL ROOM 102 BF- 
FD 

Lab ID: 7012117029 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 






Lead 

1.1 ug/L 


1.0 

1 


03/02/17 23:01 7439-92-1 

Sample: 31-1 ST FL NURSE'S ROOM 
SINK-FD 

Lab ID: 7012117031 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 






Lead 

1.8 ug/L 


1.0 

1 


03/02/17 23:10 7439-92-1 

Sample: 33-1 ST FL HANDICAP BF- 
FD 

Lab ID: 7012117033 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 






Lead 

<1.0 ug/L 


1.0 

1 


03/02/17 23:12 7439-92-1 

Sample: 35-1 ST FL LEFTSIDE 
BTHRM BF-FD 

Lab ID: 7012117035 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 






Lead 

<1.0 ug/L 


1.0 

1 


03/02/17 23:21 7439-92-1 


REPORT OF LABORATORY ANALYSIS 


Date: 03/06/2017 03:10 PM 


This report shall not be reproduced, except in full, 
without the written consent of Pace Analytical Services, LLC. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


ANALYTICAL RESULTS 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 


Sample: 37-1 ST FLOOR WF-FD 

Parameters 

Lab ID: 7012117037 

Results Units 

Collected: 02/21/17 09:30 

Report Limit DF 

Received: 

Prepared 

02/24/17 09:45 

Analyzed 

Matrix: Drinking Water 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 







Lead 

16.3 

ug/L 


1.0 

1 


03/02/17 23:30 7439-92-1 


Sample: 39-2ND FLOOR WF-FD 

Lab ID: 7012117039 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

Parameters 

Results 

Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. 

Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 







Lead 

35.2 

ug/L 


1.0 

1 


03/02/17 23:33 7439-92-1 


Sample: 41-2ND FLOOR ROOM 212 

Lab ID: 7012117041 

Collected: 02/21/17 09:30 

Received: 

02/24/17 09:45 

Matrix: Drinking Water 

BF-FD 










Parameters 

Results 

Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. 

Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 







Lead 

64.8 

ug/L 


1.0 

1 


03/02/17 23:36 7439-92-1 



REPORT OF LABORATORY ANALYSIS 


Date: 03/06/2017 03:10 PM 


This report shall not be reproduced, except in full, 
without the written consent of Pace Analytical Services, LLC. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


QUALITY CONTROL DATA 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 

QC Batch: 15204 Analysis Method: EPA 200.8 

QC Batch Method: EPA 200.8 Analysis Description: 200.8 MET No Prep Drinking Water 

Associated Lab Samples: 7012117001, 7012117003, 7012117005, 7012117007, 7012117009, 7012117011,7012117013, 7012117015, 
7012117017, 7012117019, 7012117021,7012117023, 7012117025, 7012117027, 7012117029, 7012117031, 
7012117033 


METHOD BLANK: 74319 


Matrix: Water 


Associated Lab Samples: 7012117001, 7012117003, 7012117005, 7012117007, 7012117009, 7012117011,7012117013, 7012117015, 
7012117017, 7012117019, 7012117021,7012117023, 7012117025, 7012117027, 7012117029, 7012117031, 




7012117033 


Blank 

Reporting 




Parameter 


Units 

Result 

Limit 

Analyzed 

Qualifiers 

Lead 



ug/L 

<1.0 

1.0 

03/02/17 21:42 



LABORATORY CONTROL SAMPLE: 

74320 








Spike LCS LCS 

% Rec 



Parameter 

Units 

Cone. Result % Rec 

Limits Qualifiers 


Lead 

ug/L 

50 

47.3 95 

85-115 



MATRIX SPIKE SAMPLE: 

74322 

7011855006 

Spike MS 

MS 

% Rec 


Parameter 

Units 

Result 

Cone. Result 

% Rec 

Limits 

Qualifiers 

Lead 

ug/L 

27.2 

2 7.9 

-966 

70-130 

Ml 

MATRIX SPIKE SAMPLE: 

74324 

7012117017 

Spike MS 

MS 

% Rec 


Parameter 

Units 

Result 

Cone. Result 

% Rec 

Limits 

Qualifiers 

Lead 

ug/L 

29.6 

2 31.2 

80 

70-130 


SAMPLE DUPLICATE: 74321 


7011855006 

Dup 

Max 



Parameter 

Units 

Result 

Result RPD 

RPD 

Qualifiers 


Lead 

ug/L 

27.2 

14.4 62 

20 

D6 


SAMPLE DUPLICATE: 74323 


7012117017 

Dup 

Max 



Parameter 

Units 

Result 

Result RPD 

RPD 

Qualifiers 


Lead 

ug/L 

29.6 

29.6 0 

20 




Results presented on this page are in the units indicated by the "Units" column except where an alternate unit is presented to the right of the result. 
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Date: 03/06/2017 03:10 PM 


This report shall not be reproduced, except in full, 
without the written consent of Pace Analytical Services, LLC. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


QUALITY CONTROL DATA 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 

QC Batch: 15205 Analysis Method: EPA 200.8 

QC Batch Method: EPA 200.8 Analysis Description: 200.8 MET No Prep Drinking Water 

Associated Lab Samples: 7012117035, 7012117037, 7012117039, 7012117041 


METHOD BLANK: 74325 Matrix: Water 

Associated Lab Samples: 7012117035, 7012117037, 7012117039, 7012117041 

Blank Reporting 


Parameter 

Units 

Result 

Limit 


Analyzed 

Qualifiers 



Lead 

ug/L 

<1.0 


1.0 

03/02/17 23:15 



LABORATORY CONTROL SAMPLE: 

74326 










Spike LCS 


LCS 

% Rec 



Parameter 

Units 

Cone. Result 


% Rec 

Limits Qualifiers 


Lead 

ug/L 

50 

51.4 


103 

85-115 



MATRIX SPIKE SAMPLE: 

74328 

7012117035 

Spike 


MS 

MS 

% Rec 


Parameter 

Units 

Result 

Cone. 


Result 

% Rec 

Limits 

Qualifiers 

Lead 

ug/L 

<1.0 


2 

2.1 

94 

70-130 


MATRIX SPIKE SAMPLE: 

74330 

7012119013 

Spike 


MS 

MS 

% Rec 


Parameter 

Units 

Result 

Cone. 


Result 

% Rec 

Limits 

Qualifiers 

Lead 

ug/L 

53.8 


2 

54.3 

25 

70-130 

Ml 

SAMPLE DUPLICATE: 74327 


7012117035 

Dup 



Max 



Parameter 

Units 

Result 

Result 


RPD 

RPD 

Qualifiers 


Lead 

ug/L 

<1.0 

<1.0 


20 



SAMPLE DUPLICATE: 74329 


7012119013 

Dup 



Max 



Parameter 

Units 

Result 

Result 


RPD 

RPD 

Qualifiers 


Lead 

ug/L 

53.8 

48.9 

10 

20 




Results presented on this page are in the units indicated by the "Units" column except where an alternate unit is presented to the right of the result. 


REPORT OF LABORATORY ANALYSIS 


Date: 03/06/2017 03:10 PM 


This report shall not be reproduced, except in full, 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


QUALIFIERS 


Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 

DEFINITIONS 

DF - Dilution Factor, if reported, represents the factor applied to the reported data due to dilution of the sample aliquot. 

ND - Not Detected at or above adjusted reporting limit. 

J - Estimated concentration above the adjusted method detection limit and below the adjusted reporting limit. 

MDL-Adjusted Method Detection Limit. 

PQL - Practical Quantitation Limit. 

RL - Reporting Limit. 

S - Surrogate 

1,2-Diphenylhydrazine decomposes to and cannot be separated from Azobenzene using Method 8270. The result for each analyte is 
a combined concentration. 

Consistent with EPA guidelines, unrounded data are displayed and have been used to calculate % recovery and RPD values. 

LCS(D) - Laboratory Control Sample (Duplicate) 

MS{D) - Matrix Spike (Duplicate) 

DUP - Sample Duplicate 

RPD - Relative Percent Difference 

NC - Not Calculable. 

SG - Silica Gel - Clean-Up 

U - Indicates the compound was analyzed for, but not detected. 

N-Nitrosodiphenylamine decomposes and cannot be separated from Diphenylamine using Method 8270. The result reported for 
each analyte is a combined concentration. 

Pace Analytical is TNI accredited. Contact your Pace PM for the current list of accredited analytes. 

TNI - The NELAC Institute. 

LABORATORIES 

PACE-MV Pace Analytical Services - Melville 

ANALYTE QUALIFIERS 

D6 The relative percent difference (RPD) between the sample and sample duplicate exceeded laboratory control limits. 

Ml Matrix spike recovery exceeded QC limits. Batch accepted based on laboratory control sample (LCS) recovery. 
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www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


QUALITY CONTROL DATA CROSS REFERENCE TABLE 

Project: Arch of Newark/St Nancy Phx ct 

Pace Project No.: 7012117 


Analytical 

Lab ID Sample ID QC Batch Method QC Batch Analytical Method Batch 


7012117001 

01-DOAME ROOM SUB BSMT BF- 
FD 

EPA 200.8 

15204 

7012117003 

03-BSMT BOY BTHRM FAUCET 
#1-FD 

EPA 200.8 

15204 

7012117005 

05-BSMT BOY BTHRM 
FAUCET#2-FD 

EPA 200.8 

15204 

7012117007 

07-BSMT BOY BTHRM 
FAUCET#3-FD 

EPA 200.8 

15204 

7012117009 

09-BSMT BOY BTHRM 
FAUCET#4-FD 

EPA 200.8 

15204 

7012117011 

11-SUBSBMT GIRLS BTHRM WF- 
FD 

EPA 200.8 

15204 

7012117013 

13-SUB BSMT BOYS BTHRM WF- 
FD 

EPA 200.8 

15204 

7012117015 

15-SUB BSMT KITCHEN FAUCET- 
FD 

EPA 200.8 

15204 

7012117017 

17-BSMT WF #1-FD 

EPA 200.8 

15204 

7012117019 

19-BSMT GIRL BTHRM FAUCT 1- 
FD 

EPA 200.8 

15204 

7012117021 

21-BSMT GIRL BTHRM FAUCET 
2-FD 

EPA 200.8 

15204 

7012117023 

23-BSMT GIRL BTHRM FAUCET 
3-FD 

EPA 200.8 

15204 

7012117025 

25-BSMT GIRL BTHRM FAUCET 
4-FD 

EPA 200.8 

15204 

7012117027 

27-BSMT TEACHING KTCHN FCT- 
FD 

EPA 200.8 

15204 

7012117029 

29-1 ST FL ROOM 102 BF-FD 

EPA 200.8 

15204 

7012117031 

31-1ST FL NURSE'S ROOM SINK- 
FD 

EPA 200.8 

15204 

7012117033 

33-1 ST FL HANDICAP BF-FD 

EPA 200.8 

15204 

7012117035 

35-1 ST FL LEFTSIDE BTHRM BF- 
FD 

EPA 200.8 

15205 

7012117037 

37-1 ST FLOOR WF-FD 

EPA 200.8 

15205 

7012117039 

39-2ND FLOOR WF-FD 

EPA 200.8 

15205 

7012117041 

41-2ND FLOOR ROOM 212 BF-FD 

EPA 200.8 

15205 
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•Important Note: By signing this form you are accepting Pace's NET 30 day payment terms and agreeing to late charges of 1.5% per month for any invoices not paid wrthin 30 days. F-ALL-Q-020rev.08, 12-0cl-2007 
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CHAIN-OF-CUSTODY / Analytical Request Document 

The Chain-of-Custody is a LEGAL DOCUMENT All relevant fields must be completed accurately. 
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'Important Note; By signing this form you are accepting Pace's NET 30 day paymertt tenns and agreeing to late charges of 1.5% per month for any invoices not paid within 30 days. F-ALL-Q-020r6V.08, 12-Oct’2007 












































































































Face Analytical 


Client Name: JiclS _ 


W0#:7012117 

PM: EMH Due Date: 03/03/17 
CLIENT: OES 


Cuurie.j/)!<r6dEx I illPS i lUHPS Cbornmercial C>£ce Other -- 

Tracking <CS ^ 1 ~1 

Custody Seal on Coorer/Box Pres^^T: ".Ly- Seals intact: Uyos □ no 

Packing Material: nBubbleWrap [^Bubble Bags ®None —^Other 

_ T.inno Xw,,o r.r Ir-p- Wet Bluc 



Packing Material: DBubbleWrap L_BUDUie bags ^ -- 

-r,jn-jv THn7« TvDC of Ice: Wet Bluef/Nond Q Samples on ice. cooling process has begun 

Thermometer Used: IHU// inu/o \ 

Cooler Temperature: ' 


Comments: 


Date and InitlaJisLof person examin 

contents;_ “ * 




Temp should be above freezing lo 6 C _ __ _ 

' • , Dno i_ In/A 

1. 


•- , X 1 *.• . >^^Yes DNo DN/A 

nhaJn rtf Piicfnrlw Pillpri Oltf’ >U|Te5, - 

2. 

, * /C^Yes DNo DN/A 

3.— 

Olmid Ul L/USlOUy rxClII iCjulbl mu. • . i/ — 

Samoler Name & Sinnafure on COC: • — 

4^ 

- , ■ , . * "^yes DNo DN/A 

5. 

Short Hold Time Analysis (<72hr): DYes tjwo Un/^ 

6. 

Rii<?h Turn Around Time Requested: UYes Stio Df^ 

7. 

Sufficient Volume' /^Yes DNo LJN/a 

8. 

. yfiVes DNo DN/A 

Correct Containers Used: W 

-P^r^Pr^ntnin^r^lked' 

9. 

Intnrt- ” 

10.- - ■ 

[r:n.= r.^a wr^l.tmo r<=..-oiwoH fnr ninsolved tests OYes DNo Ufl(A 

11. ' - 

O 1 1 U I t h nn^r- /QYes DNo UN/A 

Sample Labels match COO. /f\ 

12. 

All containers needing preservation have oeen checked. \ 

All containers needing preservation are found to be in ^ 

]Yes DNo DNIA 

jYes DNo DN/A 

13. 

Initial when 
completed: 

Lot # of added 
preservative: 

compliance with EPA recommenaaiion. j 


Dale and Time 
preservative added: 


14. 

Headspace in VOA Vials ( '-Cmm). - -- 

^A 

A 

A 

15. 

16. 

Field Data Required? Y / N 

□Yes Dno Dr 

1 lip Blank Present: 

, , DYes Dno Dn 

Trip Blank Custody Seals Present 

Pace Trip Blank Lot # (if purchased). - - 


Daje/Time: 


Client Notification/ Resolution: 


PM (Project Manager) review is 


documented electronically in LIMS. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


March 10, 2017 


Geiser Fajardo 

Omega Environmental Services 

280 Huyler Street 

South Hackensack, NJ 07606 


RE: Project: ARCH OF NEWARK/ST MARY PHOENIX 
Pace Project No.: 7012913 


Dear Geiser Fajardo: 

Enclosed are the analytical results for sample(s) received by the laboratory on March 08, 2017. The 
results relate only to the samples included in this report. Results reported herein conform to the most 
current, applicable TNI/NELAC standards and the laboratory's Ouality Assurance Manual, where 
applicable, unless otherwise noted in the body of the report. 


Samples, in the electronic data deliverable (EDD) that accompanied this report, were flagged yellow 
if they exceeded the NYSDOH 15 ppb action level. 


If you have any questions concerning this report, please feel free to contact me. 


Sincerely, 


Elizabeth Harrison 
betty.harrison@pacelabs.com 
(631)694-3040 
Project Manager 


Enclosures 


cc: David Ekstrand, Omega Environmental Services 
Michael Levay, Omega Environmental Services 
Emma Moody, Omega Environmental Services 
Ray, Omega Environmental Services 
Lab Reports, Omega Environmental Services 
Reports 



REPORT OF LABORATORY ANALYSIS 

This report shall not be reproduced, except in full, 
without the written consent of Pace Analytical Services, LLC. 
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www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


CERTIFICATIONS 


Project: ARCH OF NEWARK/ST MARY PHOENIX 

Pace Project No.: 7012913 


Long Island Certification IDs 

575 Broad Hollow Rd, Melville, NY 11747 Maryland Certification #: 208 

New York Certification #: 10478 Primary Accrediting Body Rhode Island Certification #: LA000340 

New Jersey Certification #: NY158 Massachusetts Certification #: M-NY026 

Pennsylvania Certification #: 68-00350 New Hampshire Certification #: 2987 

Connecticut Certification #: PH-0435 


REPORT OF LABORATORY ANALYSIS 


This report shall not be reproduced, except in full, 
without the written consent of Pace Analytical Services, LLC. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


SAMPLE SUMMARY 


Project: ARCH OF NEWARK/ST MARY PHOENIX 

Pace Project No.: 7012913 


Lab ID 

Sample ID 

Matrix 

Date Collected 

Date Received 

7012913001 

18 BSMT WF #1 

Drinking Water 

02/21/17 09:30 

03/08/17 10:45 

7012913002 

38 1ST FLOOR WF FL 

Drinking Water 

02/21/17 09:30 

03/08/17 10:45 

7012913003 

40 2ND FLOOR WF FL 

Drinking Water 

02/21/17 09:30 

03/08/17 10:45 

7012913004 

42 2ND FLOOR RM 212 BR FL 

Drinking Water 

02/21/17 09:30 

03/08/17 10:45 


REPORT OF LABORATORY ANALYSIS 
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without the written consent of Pace Analytical Services, LLC. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


SAMPLE ANALYTE COUNT 

Project: ARCH OF NEWARK/ST MARY PHOENIX 

Pace Project No.: 7012913 


Lab ID 

Sample ID 

Method 

Analysts 

Analytes 

Reported 

Laboratory 

7012913001 

18 BSMT WF #1 

EPA 200.8 

AKS 

1 

PACE-MV 

7012913002 

38 1ST FLOOR WF FL 

EPA 200.8 

AKS 

1 

PACE-MV 

7012913003 

40 2ND FLOOR WF FL 

EPA 200.8 

AKS 

1 

PACE-MV 

7012913004 

42 2ND FLOOR RM 212 BR FL 

EPA 200.8 

AKS 

1 

PACE-MV 
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without the written consent of Pace Analytical Services, LLC. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


ANALYTICAL RESULTS 


Project: ARCH OF NEWARK/ST MARY PHOENIX 

Pace Project No.: 7012913 


Sample: 18BSMTWF#1 

Parameters 

Lab ID: 7012913001 

Results Units 

Collected: 02/21/17 09:30 

Report Limit DF 

Received: 

Prepared 

03/08/17 10:45 

Analyzed 

Matrix: Drinking Water 

CAS No. Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 







Lead 

3.6 

ug/L 


1.0 

1 


03/10/17 12:05 7439-92-1 


Sample: 38 1ST FLOOR WF FL 

Lab ID: 7012913002 

Collected: 02/21/17 09:30 

Received: 

03/08/17 10:45 

Matrix: Drinking Water 

Parameters 

Results 

Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. 

Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 







Lead 

2.0 

ug/L 


1.0 

1 


03/10/17 12:08 7439-92-1 


Sample: 40 2ND FLOOR WF FL 

Lab ID: 7012913003 

Collected: 02/21/17 09:30 

Received: 

03/08/17 10:45 

Matrix: Drinking Water 

Parameters 

Results 

Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. 

Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 







Lead 

3.6 

ug/L 


1.0 

1 


03/10/17 12:16 7439-92-1 


Sample: 42 2ND FLOOR RM 212 BR Lab ID: 7012913004 

Collected: 02/21/17 09:30 

Received: 

03/08/17 10:45 

Matrix: Drinking Water 

FL 










Parameters 

Results 

Units 


Report Limit 

DF 

Prepared 

Analyzed 

CAS No. 

Qual 

200.8 MET ICPMS Drinking Water 

Analytical Method: EPA 200.8 







Lead 

11.8 

ug/L 


1.0 

1 


03/10/17 12:19 7439-92-1 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


QUALITY CONTROL DATA 


Project: ARCH OF NEWARK/ST MARY PHOENIX 

Pace Project No.: 7012913 


00 Batch: 16405 


Analysis Method: 

EPA 200.8 




00 Batch Method: EPA 200.8 


Analysis Description: 

200.8 MET No Prep Drinking Water 



Associated Lab Sannples: 7012913001,7012913002, 

7012913003, 7012913004 






METHOD BLANK: 79600 


Matrix: Water 






Associated Lab Sannples: 7012913001,7012913002, 

7012913003, 7012913004 








Blank Reporting 





Parameter 

Units 

Result Limit 


Analyzed 

Qualifiers 



Lead 

ug/L 

<1.0 

1.0 

03/10/17 12:46 



LABORATORY CONTROL SAMPLE: 

79601 

Spike LCS 


LCS 

% Rec 



Parameter 

Units 

Cone. Result 


% Rec 

Limits Qualifiers 


Lead 

ug/L 

50 50.0 


100 

85-115 



MATRIX SPIKE SAMPLE: 

79603 

7012909001 Spike 


MS 

MS 

% Rec 


Parameter 

Units 

Result Cone. 


Result 

% Rec 

Limits 

Qualifiers 

Lead 

ug/L 

9.8 

2 

11.6 

92 

70-130 


MATRIX SPIKE SAMPLE: 

79605 

7012913002 Spike 


MS 

MS 

% Rec 


Parameter 

Units 

Result Cone. 


Result 

% Rec 

Limits 

Qualifiers 

Lead 

ug/L 

2.0 

2 

3.6 

83 

70-130 


SAMPLE DUPLICATE: 79602 


7012909001 Dup 



Max 



Parameter 

Units 

Result Result 


RPD 

RPD 

Qualifiers 


Lead 

ug/L 

9.8 

9.7 


1 20 



SAMPLE DUPLICATE: 79604 


7012913002 Dup 



Max 



Parameter 

Units 

Result Result 


RPD 

RPD 

Qualifiers 


Lead 

ug/L 

2.0 

2.1 


4 20 




Results presented on this page are in the units indicated by the "Units" column except where an alternate unit is presented to the right of the result. 
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weAnalytical 

www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


QUALIFIERS 


Project: ARCH OF NEWARK/ST MARY PHOENIX 

Pace Project No.: 7012913 

DEFINITIONS 

DF - Dilution Factor, if reported, represents the factor applied to the reported data due to dilution of the sample aliquot. 

ND - Not Detected at or above adjusted reporting limit. 

J - Estimated concentration above the adjusted method detection limit and below the adjusted reporting limit. 

MDL-Adjusted Method Detection Limit. 

PQL - Practical Quantitation Limit. 

RL - Reporting Limit. 

S - Surrogate 

1,2-Diphenylhydrazine decomposes to and cannot be separated from Azobenzene using Method 8270. The result for each analyte is 
a combined concentration. 

Consistent with EPA guidelines, unrounded data are displayed and have been used to calculate % recovery and RPD values. 

LCS(D) - Laboratory Control Sample (Duplicate) 

MS{D) - Matrix Spike (Duplicate) 

DUP - Sample Duplicate 

RPD - Relative Percent Difference 

NC - Not Calculable. 

SG - Silica Gel - Clean-Up 

U - Indicates the compound was analyzed for, but not detected. 

N-Nitrosodiphenylamine decomposes and cannot be separated from Diphenylamine using Method 8270. The result reported for 
each analyte is a combined concentration. 

Pace Analytical is TNI accredited. Contact your Pace PM for the current list of accredited analytes. 

TNI - The NELAC Institute. 

LABORATORIES 

PACE-MV Pace Analytical Services - Melville 
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www.pacelabs.com 


Pace Analytical Services, LLC 

575 Broad Hollow Road 
Melville, NY 11747 
(631)694-3040 


QUALITY CONTROL DATA CROSS REFERENCE TABLE 

Project: ARCH OF NEWARK/ST MARY PHOENIX 

Pace Project No.: 7012913 


Analytical 

Lab ID Sample ID QC Batch Method QC Batch Analytical Method Batch 


7012913001 

18 BSMT WF #1 

EPA 200.8 

16405 

7012913002 

38 1ST FLOOR WF FL 

EPA 200.8 

16405 

7012913003 

40 2ND FLOOR WF FL 

EPA 200.8 

16405 

7012913004 

42 2ND FLOOR RM 212 BR FL 

EPA 200.8 

16405 
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without the written consent of Pace Analytical Services, LLC. 


Page 8 of 13 





'Important Note; By signing this form you are accepting Pace's NET 30 day payment terms and agreeing to late charges of 1.5% per month for any invoices lot paid within 30 days. F-ALL-Q-020rev.08, 12*0ct>2007 
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■Important Note: By signing this form you are accepting Pace's NET 30 day payment terms and agreeing to late charges of 1 per month tor any invoices not paid within 30 days. F-ALL-Q-020rev.08, 12-Oct-2007 
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'Important Note: By signing this form you are accepting Pace’s NET 30 day payment terms and agreeing to late charges of 1.5% per month for any invoices not paid within 30 days. F-ALL-Q-020rev.08, 12-0ct-2007 
















































































































/^_..FiceAnalytical Qlient Nam© 

n.,ps Hlisps ncMn, 

Tracking 1. Seals intact: 

Custody Seal on Cooler/Box Present. . .. HNone (^Other 

— PBuljble Bags UNone 

Packing Material: ijBubblaWrap T^rDeofIce: Wet Blue 

__TH077 (ni-io7jy yp 


Thermometer Used: TH077 

r- -- 

Cooler Temperature: - y i - 

Temp should be above freezing to 6 © 


W0#^7012913 

cTi™r 

CLIENT: OES 


yes 

P[(tgtt c 


k Present: 

k Custody Seals Present 
Blank Lot II (if p ixchase^ 


iification/ Resolution, 
son Contacled: 
ats/ Resolution 


PM (Project Manager) review 



Field Data Required? 
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Y.A.L.E. School, Inc. 

2127 Church Road 
Cherry Hill, NJ 08002 

April 12, 2017 

Dear Y.A.L.E. Sehool Community: 

Our s ehool s ystem is e ommitted to p roteeting s tudent, te aeher, a nd s taff h ealth. T o 
proteet o ur e ommunity a nd be i n e omplianee w ith t he D epartment of E dueation 
regulations, our sehool’s drinking water was tested for lead. 

In aeeordanee with the NJ Department of Edueation regulations, the Y.A.L.E. Sehool 
will im plement im mediate r emedial m easures f or a ny d rinking w ater o utlet w ith a 
result greater than the Lead Aetion Level of 15 ug/1 (parts per billion [PPB]). This 
ineludes turning off the outlet unless it is determined the loeation must remain on for 
non-drinking p urposes. I n these eases, a “ DO NOT DR INK - SAFE FO R 
HANDWASHING ONLY” sign will be posted. 

Results of our Testing 

We identified and tested all drinking water and food preparation outlets at the building. 
Of the 21 samples eolleeted from this faeility, 20 (95%) tested below the lead aetion 
level and 1 tested above the lead aetion level. 


The table below identifies the drinking water outlet that tested above the 15 PPB for lead and 
the action taken to reduce the level of lead at this location. Note that this outlet is not used for 
food preparation and seldom used for drinking water. 


Sample 

Location 

First 
Draw 
Result in 
ug/1 
(ppb) 

Remedial 
Action 
After First 
Draw 

Second 
Draw 
Result in 
ug/1 
(ppb) 

Remedial 

Action 

After 

Second 

Draw 

Third 
Draw 
Result 
in ug/1 
(ppb) 

Remedial 

Action 

After 

Third 

Draw 

Room 190 

158 

Fixture 
taken out 
of service 

164 

Fixture 
taken out 
of service 

10.9 

Fixture 
taken out 
of service 


For More Information 


A eopy of the test results is available on our website at www.yalesehool.eom . For more 
information about water quality in our sehools, eontaet Seott Klenk at (856) 482-5252 
ext. 140. 

For more information on redueing lead exposure around your home and the health 
effeets of lead, visit EPA’s Website at www.epa.gov/lead , eall the National Lead 
Information Center at 800-424-LEAD, or eontaet your health eare provider. 

If you are eoneerned about lead exposure at this faeility or in your home, you may want 
to ask your health eare providers about testing ehildren to determine levels of lead in 
their blood. 

Sineerely, 

Chris Sarandoulias 
Direetor, Y.A.L.E. Sehool, Ine. 















9000 Commerce Parkway, Suite B • Mount Laurel, NJ 08054 
Phone: 877-428-4285/856-231-9449 • Fax: 856-231-9818 


INTERNATIONAL 

Asbestos Tesiinc Laboratories 


Chain of Custody 

- Environmental Lead - 


Contact Information 

Client Company: V4l€> ^ 

Office Address: /0 4 

City, State, Zip: kt^ 

Fax Number: 

Email Address: ^Ki^.r7 


Project Number: 

Project Name: 
Primary Contact: 
Office Phone: 
tiffin Cell Phone: 


ScA-rr kiie.nK _ 


iATL is accredited by the National Lead Laboratory Accreditation Program (NLLAP) to perform analytical testinsi of 
environmental samples for lead (Pb). The accreditation is through AIHA-LAP, LLC and several other nationally " 
recognized state programs. 

Matrix/Method; 

□ Paint by AAS: ASTM D3335-85a, 2009 

□ Wipe/Dust by AAS: SW 846: 3050B: 700B, 2010 

□ Air by AAS: NIOSH 7082, 1994 
□^oil by AAS: EPA SW 846 (Soil) 

S Water by AAS-GF: ASTM D3559-03D, USEPA 40CFR 141.11B, 2010 
n Other Metals (Cd, Zn, Cr) by AAS 

□ Toxicity Characteristic Leaching Procedure (TCLP) by AAS: USEPA 1311 

EH Other __ 

Special Instructions: 


Turnaround Time 

Preliminary Results Requested Date: _ Elverbal El Email CD Fax 

Specific date / time 

D 10 Day Day 03 Day E] 2 Day El 1 Day* E] 12 Hour** D 6 Hour** D RUSH** 

* End ofnext business day unless othenvise specified. ** Matrix Dependent. ***Please notify the lab before shipping*** 


Chain of Custody 

Relinquished (Name/Organization): 
Received (Name / iATL): 

Sample Login (Name / iATL): 
Analysis(Name(s) / iATL): 

QA/QC Review (Name / iATL): 
Archived / Released:_QA/Q{ 



InterLAB Use; 


Date; 

Time: 

Date: i3 jS^ J'? 

Time; 

Date: 

Time: 

Date: SMIIJ 

Time; 

Date: 

Time: 

Date: 

Time: 


; :iS~ 














“ Insufficient Sample ProMleftlo Perform QC Reanalysis (<200mg) 

** = Insufficient Sample Provided to Analyze (<50mg) »**= Matrix /Substrate Inletference Possible 
FB ~ Method Requii es the submittal ofblank(s). ML ~ Multi Layered Sample. May’ result in inconsistent results. 

These preliminary results are issued by iATL to expedite procedures by clients based upon the above data. iATL assumes that all of the sampling methods 
and dma upon which these results are based, has been accurately supplied by the client. These results may not have been reviewed by the Laboratory' Director 
binal Certihcate of Analysis will follow these preliminary results. The signed COA is to be considered the official results All EPA HUD and NJDEP 
conditions apply. ' ’ ’ 

(. CiCbriitiirg 25 yeur.s., .one sanipie at n tipne 

N'.’i'.w.uriLcoPi iAi i. 


Submit Form 


-2- 




















INTERN ATION AL 

Asbestos 1'esti.n-g Laboratories 


9000 Commerce Parkway, Suite B • Mount Laurel, NJ 08054 
Phone; 877-428-4285/856-231-9449 • Fax: 856-231-9818 


Client: 


Sampling Date/Time: 


Sample Log 

-Environmental Lead - 


Mt>6/ 'puc. 

3 // A/,7 


Project: 





- Insufficient Sample Provided to Perform QC Reanalysis (<200mg) 

** = Insufficient Sample Provided to Analyse (<50mg) **•= Matrix/Substrate Interference Possible 
FB - Method Requires the submittal of blank(s). ML = Multi Layered Sample. May result in inconsistent results. 

These prelimina ry results are issued by iATL to expedite procedures by clients based upon the above data, iATL assumes that all of the sampling methods 

f 1 1 Tm u ’ ' These results may not have been reviewed by the Laboratory Direlr 

Final Certificate of Analysis will follow these preliminary results. The signed COA is to be considered the official results All EPA HUD and NJDEP 
conditions apply. ’ 

C clcbraiip.g 25 years.. .one sample at a lime 

w vvw.iatl.com I ATI. 


Submit Form 


-2- 

















International Asbestos 
Testing Laboratories 


lATL 


9000 Commerce Parkway, Suite B, Mt. Laurel, NJ 08054 


Telephone: 856-231-9449 Fax: 856-231-9818 

_INFO@IATL.COM 


DAILY QUALITY CONTROL DATA 


LEAD SAMPLE ANALYSIS 

(DATE: 03/20/ 17) 


Standard 

Total Lead 
(mg) 

Percent 
Recovery ** 

Reagent Blank 

0.000 

< LOQ 

Blank Spike 

0.500 

96 

Lab Control Std 

1.430 

94 

Matrix Spike - LBP * 

0.44 

103 

Matrix Spike - Wipe * 

0.37 

91 

Matrix Spike - Soil * 

0.348 

85 

Matrix spike - Air * 

0.050 

96 

2.5 ppm Standard 

0.25 

98 

10.0 ppm Standard 

1.0 

99 

40.0 ppm Standard 

4.0 

96 


AIHA-LAP, LLC No. 100188 NYSDOH-ELAP No. 11021 

Analysis Method: ASTM D3335-85A 
NIOSH 7082 

_ EPA SW846 3050B 7000B __ 

Comments: IATL assumes that all sampling complies with accepted methods. 

All client supplied sampling data is assumed to be correct when calculating results. 

Detection limit based upon 0.2 mg/L reporting limit and sample size. 

* NIST Traceable. 



AAS.DailyQC.005 




lATTL 

INTERNATIONAL 

Asbestos Testing Laboratories 


9000 Commerce Parkway Suite B 
Mt. Laurel, New Jersey 08054 
Telephone: 856-231-9449 
Email: customerservice@iatl.com 


CERTIFICATE OF ANALYSIS 


Client: YALE School 

Report Date: 

3/16/2017 

10-A Jennings Road 

Report No.: 

531886-Lead Water 

Medford NJ 08055 

Project: 

Yale C.R. 

Client: YALOOl 

Project No.: 


LEAD WATER SAMPLE ANALYSIS SUMMARY 


Lab No.:6175607 

Client No.: 1 

Loeation:L.S. 1 FL-Drinking Fountain 

Result(ppb): <2.00 

Lab No.:6175608 

Client No.:2 

Loeation:L.S. 1 FL Room 134-MOP 

Resnlt(ppb): <2.00 

Lab No.:6175609 

Client No.:3 

Loeation:L.S. 1 FL Hallway #2-Drinking 
Fountain 

Resnlt(ppb): <2.00 

Lab No.:6175610 

Client No.:4 

Loeation:L.S. 1 FL Rm 114-Sink 

Result(ppb):2.20 

Lab No.:6175611 

Client No.:5 

Loeation:L.S. 1 FL Rm 114-Ice Machine 

Result(ppb): <2.00 

Lab No.:6175612 

Client No.:6 

Location: L.S. 1 FL Rm 160-Kitchen Sink 

Result(ppb):3.30 

Lab No.:6175613 

Client No.:7 

Location:L.S. 1 FL Rm 170-Kitchen Sink 

Resnlt(ppb): <2.00 

Lab No.:6175614 

Client No.:8 

Location:L.S. 1 FL Rm 180-Kitchen Sink 

Resnlt(ppb):2.70 

Lab No.:6175615 

Client No.:9 

Location:L.S. 1 FL Rm 190-Kitchen Sink 

Result(ppb):158 

Lab No.:6175616 

Client No.: 10 

Location:L.S. 2 FL Rm 221-Kitchen Sink 

Result(ppb): <2.00 


Please refer to the Appendix of this report for further information regarding your analysis. 


Date Received: 
Date Analyzed: 

Signature: 

Analyst: 


3/15/2017 

03/16/2017 

Mark Stewart 


Approved By: 


Frank E. Ehrenfeld, III 
Laboratory Director 


Dated : 3/20/2017 4:49:50 PM 
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lATTL 

INTERNATIONAL 

Asbestos Testing Laboratories 


9000 Commerce Parkway Suite B 
Mt. Laurel, New Jersey 08054 
Telephone: 856-231-9449 
Email: customerservice@iatl.com 


CERTIFICATE OF ANALYSIS 


Client: YALE School 

Report Date: 

3/16/2017 

10-A Jennings Road 

Report No.: 

531886-Lead Water 

Medford NJ 08055 

Project: 

Yale C.R. 

Client: YALOOl 

Project No.: 


LEAD WATER SAMPLE ANALYSIS SUMMARY 


Lab No.:6175617 

Client No.: 11 

Loeation:L.S. 2 FL Rm 221-Kitchen Sink 

Result(ppb): <2.00 

Lab No.:6175618 

Client No.: 12 

Loeation:L.S. 2 FL 222-Kitchen Sink 

Result(ppb): <2.00 

Lab No.:6175619 

Client No.: 13 

Location:L.S. 2 FL 223-Kitchen Sink 

Result(ppb): <2.00 

Lab No.:6175620 

Client No.: 14 

Location: L.S. 2 FL 224-Kitchen Sink 

Result(ppb): <2.00 

Lab No.:6175621 

Client No.: 15 

Location:L.S. 2 FL 225-Kitchen Sink 

Result(ppb): <2.00 

Lab No.:6175622 

Client No.: 16 

Location:L.S. 2 FL 226-Kitchen Sink 

Result(ppb): <2.00 

Lab No.:6175623 

Client No.: 17 

Location:L.S. 2 FL 227-Kitchen Sink 

Result(ppb): <2.00 

Lab No.:6175624 

Client No.: 18 

Location:U.S.Faculty Rm-Kitchen Sink 

Result(ppb): <2.00 

Lab No.:6175625 

Client No.: 19 

Location:U.S.l FL Hall-Drinking Fountain 

Result(ppb): <2.00 

Lab No.:6175626 

Client No.:20 

Location:U.S.l FL Main Office Bathroom 

Result(ppb): <2.00 


Please refer to the Appendix of this report for further information regarding your analysis. 


Date Received: 
Date Analyzed: 

Signature: 

Analyst: 


3/15/2017 

03/16/2017 

Mark Stewart 


Approved By: 


Frank E. Ehrenfeld, III 
Laboratory Director 


Dated : 3/20/2017 4:49:50 PM 
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lATTL 

INTERNATIONAL 

Asbestos Testing Laboratories 


9000 Commerce Parkway Suite B 
Mt. Laurel, New Jersey 08054 
Telephone: 856-231-9449 
Email: customerservice@iatl.com 


CERTIFICATE OF ANALYSIS 


Client: 

YALE School 

Report Date: 

3/16/2017 


10-A Jennings Road 

Report No.: 

531886-Lead Water 


Medford NJ 08055 

Project: 

Yale C.R. 

Client: 

YALOOl 

Project No.: 



LEAD WATER SAMPLE ANALYSIS SUMMARY 


Lab No.:6175627 Location:U.S.2 FL Hall-Drinking Fountain Result(ppb):<2.00 

Client No.:21 


Please refer to the Appendix of this report for further information regarding your analysis. 


Date Received: 
Date Analyzed: 

Signature: 

Analyst: 


3/15/2017 

03/16/2017 



Mark Stewart 



Approved By: 


Frank E. Ehrenfeld, III 
Laboratory Director 


Dated : 3/20/2017 4:49:50 PM 


Page 3 of 4 
















lATL 

INTERNATIONAL 

Asbestos Testing Laboratories 


9000 Commerce Parkway Suite B 
Mt. Laurel, New Jersey 08054 
Telephone: 856-231-9449 
Email: customerservice@iatl.com 


CERTIFICATE OF ANAEYSIS 


Client: 

YALE School 

Report Date: 

3/16/2017 


10-A Jennings Road 

Report No.: 

531886-Lead Water 


Medford NJ 08055 

Project: 

Yale C.R. 

Client: 

YALOOl 

Project No.: 



Appendix to Analytical Report: 

Customer Contact: Scott Klenk 

Analysis: AAS-GF - ASTM D3559-08D, USEPA 40CFR 141.1 IB, 2010 

This appendix seeks to promote greater understanding of any observations, exceptions, special instructions, or circumstances that the laboratory needs to communicate to 
the client concerning the above samples. The information below is used to help promote your ability to make the most informed decisions for you and your customers. 
Please note the following points of contact for any questions you may have. 

lATL Customer Service: customerservice@iatl.com 
lATL OfflceManager: cdavis@iatl.com 
lATL Account Representative: Pete Lesniak 
Sample Login Notes: See Batch Sheet Attached 
Sample Matrix: Water 
Exceptions Noted: See Following Pages 

General Terms, Warrants, Limits, Qualifiers: 

General information about iATL capabilities and client/laboratory relationships and responsibilities are spelled out in iATL policies that are listed at www.iATL.com and 
in our Quality Assurance Manual per ISO 17025 standard requirements. The information therein is a representation of iATL definitions and policies for turnaround times, 
sample submittal, collection media, blank definitions, quantification issues and limit of detection, analytical methods and procedures, sub-contracting policies, results 
reporting options, fees, terms, and discounts, confidentiality, sample archival and disposal, and data interpretation. 

iATL warrants the test results to be of a precision normal for the type and methodology employed for each sample submitted. iATL disclaims any other warrants, 
expressed or implied, including warranty of fitness for a particular purpose and warranty of merchantability. iATL accepts no legal responsibility for the purpose for 
which the client uses test results. Any analytical work performed must be governed by our Standard Terms and Conditions. Prices, methods and detection limits may be 
changed without notification. Please contact your Customer Service Representative for the most current information. 

This confidential report relates only to those item(s) tested and does not represent an endorsement by NIST-NVLAP, AIHA LAP LLC, or any agency of local, state or 
province governments nor of any agency of the U.S. government. 

This report shall not be reproduced except in full, without written approval of the laboratory. 

Information Pertinent to this Report: 

Analysis by AAS Graphite Furnace: 

-ASTM D3559-08D, USEPA 40CFR 141.1 IB, 2010 

- USEPA 200.9Pb, AAS-GF, RL <2 ppb/sample 

- USEPA SW 846-7000B:7421 - Pb(AAS-GF, RL <2 ppb/sample) 

Certification: 

-NYS-DOHNo. 11021 
-NJDEPNo. 03863 

Regulatory limit for lead in drinking water is 15.0 parts per billion as cited in EPA 40 CFR 141.11 National Primary Drinking Water Regulations, Subpart B: Maximum 
contaminant levels for inorganic chemicals. 

All results are based on the samples as received at the lab. iATL assumes that appropriate sampling methods have been used and that the data upon which these results are 
based have been accurately supplied by the client. 

Sample results are not corrected for contamination by field or analytical blanks. 

PPB = Parts per billion. 1 pg/L = 1 ppb MDL = 0.24 PPB Reporting Limit (RL) = 2.0 PPB 

Disclaimers / Qualifiers: 

There may be some samples in this project that have a “NOTE:” associated with a sample result. We use added disclaimers or qualifiers to inform the client about 
something that requires further explanation. Here is a complete list with highlighted disclaimers pertinent to this project. For a full explanation of these and other 
disclaimers, please inquire at customerservice@iatl.com. 

Water Sample Turbidity greater than 1.0 NTU does not meet Federal and NJ State Primary & Secondary Drinking Water Standards. 


Dated : 3/20/2017 4:49:50 PM 
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' ' ' 

INTERNATIONAL 

AsbedFos Testing Laboratories 


9000 Commerce Parkway, Suite B • Mount Laurel, NJ 08054 
Phone: 877-428-4285/856-231-9449 * Fax; 856-231-9818 


Chain of Custody 

- Environmental Lead - 




Contact Information 
Client Company: Y 4. L. E 
Office Address: 

City, State, Zip: _ CLe//y OPCOX 

Fax Number: 




Email Address: j ^ 


Project Number; 

Project Name 
Primary Contact 
Office Phone 
Cell Phone 


HJL 




lATL IS accredited by the National Lead Laboratoiy Accreditation Program (NLLAP) to perfomi analytical testing of 
environmental samples for lead (Pb). The accreditation is through AIHA-LAP, LLC and several other nationally 
recognized state programs. 

Matrix/Method: 

□ Paint by AAS: ASTM D3335-85a, 2009 

□ Wipe/Dust by AAS: SW 846: 3050B: 700B, 2010 

□ Air by AAS: NIOSH 7082, 1994 
^Soil by AAS: EPA SW 846 (Soil) 

0 Water by AAS-GF: ASTM D3559-03D, USEPA 40CFR 141.1 IB, 2010 

□ Other Metals (Cd, Zn, Cr) by AAS 

O Toxicity Characteristic Leaching Procedure (TCLP) by AAS: USEPA 1311 
n Other_ 

Special Instructions: 






Turnaround Time 

Preliminary Results Requested Date: 


dverbal D Email lU Fax 


Sredfic date / time 

E] 10 Day n 5 Day ^^3 Day E! 2 Day CH 1 Day* C! 12 Hour** Ci 6 Hour** EH RUSH** 

End of next business day unless otherwise specified. ** Matrix Dependent. ***Please notify the lab before shipping*' 


Chain of Custody /- j /' ~ 

Relinquished (Name/Organization): Date: , Time: 

Received (Name / lATL): Date: 7 Time: 

Sample Login (Name / lATL): gv g ■ - | q Date: Time- . ' ^ 

Analysis(Name(s) / lATL): , 

QA/QC Review (Name / lATL): ~ ^ ' I \ f 

Archived / Released: _QA/(^InterLAB Us^ 



. eiebiTiling 25 \ ears. ..one sample at a time 
svww.iatl.coin 




-1- 






B 1 M 

.--- u. -•!». , -■>„ * asasassi^ 

INTERN ATIONAL 

Asbestos Tesiing Labokatories 


9000 Commerce Parkway, Suite B • Mount Laurel, NJ 08054 
Phone: 877-428-4285/856-231-9449 • Fax: 856-231-9818 


Sample Log 

-Environmental Lead - 


Client: 


cA?)e3/ 


Sampling Date/Time: 




3 9~%]ir 


Project; 





* = insufficient Sample Provided to Perform QC Reanalysis (<200mg) 

** = Insufficient Sample Provided to Analyse (<50mg) •**= Matrix/Substrate Interference Possible 
FB = Method Requires the submittal of btank(s). ML = Multi Layered Sample. May’ result in inconsistent results. 

These preliminary results are issued by iATL to expedite procedures by clients based upon the above data. iATL assumes that all of the sampling methods 
and data upon which these results are based, has been accurately supplied by the client. These results may not have been reviewed by the Laboratory Director. 
1-mal Certificate of Analysis will follow these preliminary results. The signed COA is to be considered the official results. All EPA HUD and NJDEP 
conditions apply. 


C.'ciebraiing 2y \ctir.s., .one sample at ;i tiine 

■■vv.sv.iail.coii! iAI L 


Submit Form 


- 7 _ 











lATTL 

INTERNATIONAL 

Asbestos Testing Laboratories 


9000 Commerce Parkway Suite B 
Mt. Laurel, New Jersey 08054 
Telephone: 856-231-9449 
Email: customerservice@iatl.com 


CERTIFICATE OF ANALYSIS 


Client: 

YALE School 

Report Date: 

3/30/2017 


10-A Jennings Road 

Report No.: 

532971 - Lead Water 


Medford NJ 08055 

Project: 

CR 

Client: 

YALOOl 

Project No.: 



LEAD WATER SAMPLE ANALYSIS SUMMARY 


Lab No.:6186977 Location :Rm 190 Result(ppb): 164 

Client No.:#9 


Please refer to the Appendix of this report for further information regarding your analysis. 


Date Received: 
Date Analyzed: 

Signature: 

Analyst: 


3/28/2017 

03/30/2017 



Mark Stewart 




Frank E. Ehrenfeld, 111 
Laboratory Director 


Dated: 3/31/2017 4:59:58 PM 
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lATL 

INTERNATIONAL 

Asbestos Testing Laboratories 


9000 Commerce Parkway Suite B 
Mt. Laurel, New Jersey 08054 
Telephone: 856-231-9449 
Email: customerservice@iatl.com 


CERTIFICATE OF ANAEYSIS 


Client: 

YALE School 

Report Date: 

3/30/2017 


10-A Jennings Road 

Report No.: 

532971 - Lead Water 


Medford NJ 08055 

Project: 

CR 

Client: 

YALOOl 

Project No.: 



Appendix to Analytical Report: 

Customer Contact: Scott Klenk 

Analysis: AAS-GF - ASTM D3559-08D, USEPA 40CFR 141.1 IB, 2010 

This appendix seeks to promote greater understanding of any observations, exceptions, special instructions, or circumstances that the laboratory needs to communicate to 
the client concerning the above samples. The information below is used to help promote your ability to make the most informed decisions for you and your customers. 
Please note the following points of contact for any questions you may have. 

lATL Customer Service: customerservice@iatl.com 
lATL OfflceManager: cdavis@iatl.com 
lATL Account Representative: Pete Lesniak 
Sample Login Notes: See Batch Sheet Attached 
Sample Matrix: Water 
Exceptions Noted: See Following Pages 

General Terms, Warrants, Limits, Qualifiers: 

General information about iATL capabilities and client/laboratory relationships and responsibilities are spelled out in iATL policies that are listed at www.iATL.com and 
in our Quality Assurance Manual per ISO 17025 standard requirements. The information therein is a representation of iATL definitions and policies for turnaround times, 
sample submittal, collection media, blank definitions, quantification issues and limit of detection, analytical methods and procedures, sub-contracting policies, results 
reporting options, fees, terms, and discounts, confidentiality, sample archival and disposal, and data interpretation. 

iATL warrants the test results to be of a precision normal for the type and methodology employed for each sample submitted. iATL disclaims any other warrants, 
expressed or implied, including warranty of fitness for a particular purpose and warranty of merchantability. iATL accepts no legal responsibility for the purpose for 
which the client uses test results. Any analytical work performed must be governed by our Standard Terms and Conditions. Prices, methods and detection limits may be 
changed without notification. Please contact your Customer Service Representative for the most current information. 

This confidential report relates only to those item(s) tested and does not represent an endorsement by NIST-NVLAP, AIHA LAP LLC, or any agency of local, state or 
province governments nor of any agency of the U.S. government. 

This report shall not be reproduced except in full, without written approval of the laboratory. 

Information Pertinent to this Report: 

Analysis by AAS Graphite Furnace: 

-ASTM D3559-08D, USEPA 40CFR 141.1 IB, 2010 

- USEPA 200.9Pb, AAS-GF, RL <2 ppb/sample 

- USEPA SW 846-7000B:7421 - Pb(AAS-GF, RL <2 ppb/sample) 

Certification: 

-NYS-DOHNo. 11021 
-NJDEPNo. 03863 

Regulatory limit for lead in drinking water is 15.0 parts per billion as cited in EPA 40 CFR 141.11 National Primary Drinking Water Regulations, Subpart B: Maximum 
contaminant levels for inorganic chemicals. 

All results are based on the samples as received at the lab. iATL assumes that appropriate sampling methods have been used and that the data upon which these results are 
based have been accurately supplied by the client. 

Sample results are not corrected for contamination by field or analytical blanks. 

PPB = Parts per billion. 1 pg/L = 1 ppb MDL = 0.24 PPB Reporting Limit (RL) = 2.0 PPB 

Disclaimers / Qualifiers: 

There may be some samples in this project that have a “NOTE:” associated with a sample result. We use added disclaimers or qualifiers to inform the client about 
something that requires further explanation. Here is a complete list with highlighted disclaimers pertinent to this project. For a full explanation of these and other 
disclaimers, please inquire at customerservice@iatl.com. 

Water Sample Turbidity greater than 1.0 NTU does not meet Federal and NJ State Primary & Secondary Drinking Water Standards. 


Dated: 3/31/2017 4:59:58 PM 


Page 2 of 2 







9000 Commerce Parkway, Suite B • Mount Laurel, NJ 08054 
Phone: 877-428-4285/856-231-9449 • Fax: 856-231-9818 


|c|p 

INTERNATIONA 

Asbestos Testing Laboratories 


Contact Information 

Client Company: _ 

Office Address: _ 

City, State, Zip: _ 

Fax Number: _ 

Email Address: < 


Chain of Custody 

- Environmental Lead - 


l /C ^cJjQd I Project Number: 

/*7 Project Name: 

1^ / / _ Primary Contact: 

_ Office Phone: 

Cell Phone: 


C./L- 

C/2-- 




iATL is accredited by the National Lead Laboratory Accreditation Program (NLLAP) to perform analytical testing of 
environmental samples for lead (Pb). The accreditation is through AlHA-LAP, LLC and several other nationally 
recognized state programs. 

Matrix/Method: 

I^Paint by AAS: ASTM D3335-85a, 2009 

Wipe/Dust by AAS: SW 846: 3050B: 700B, 2010 
ZjAir by AAS: NIOSH 7082, 1994 
^ Soil by AAS: EPA SW 846 (Soil) 

Water by AAS-GF: ASTM D3559-03D, US EPA 200.9 
Other Metals (Cd, Zn, Cr) by AAS 
Toxicity Characteristic Leaching Procedure (TCLP) by AAS: US EPA 1311 

Other_ 

Special instructions: 



Turnaround Time 

Preliminai-y Results Requested Date: _ _ Clverbal Q Email [E Fax 

Speditic date / time 

□ 10 Day DsDay p3 Day □ 2 Day □ 1 Day* 012 Hour** □ 6 Hour** DrUSH** 

* End of next business day unless otherwise specified. ** Matrix Dependent. ***Plcase notify the lab before shipping** 


Chain of Custody 

Relinquished (Name/Organization): _ 

Received (Name / iATL): Q 

Sample Login (Name / iATL): 

Analysis(Name(s) / iATL): /\/\5 

QA/QC Review (Name / iATL): h ^ 

Archived / Released:_QAfdcTnterEAB Use: 


/H 

3 

^ 1 

Nil 


P 



t'clebraling 25 years,..one sample at a ti?nc 
www.iail.com 












(, ,; 

■UJ^^fciSS ir^hm an n ^ ^Sw^ ta^^LsoaomS^ 

'INTERNATIONAL 

ASBKSI'OS I'HSTtNG LaBOKATORTES 


9000 Commerce Parkway, Suite B • Mount Laurel, NJ 08054 
Phone: 877-428-4285/856-231-9449 • Fax: 856-231-9818 


Client: 


Sampling Date/Time: 


Sample Log 

-Environmental Lead 



Project: 



Client Sample # 



iATL# 

Location/ 

Description 

6196750 

l9t> 



* = Insufficient Sample Provided to Perform QC Reanalysis (<200mg) 

Insufficient Sample Provided to Analyze (<50mg) ***= Matrix/Substrate Interference Possible 
FB — Method Requires the submittal of blank(s). ML = Multi Layered Sample. May result in inconsistent results. 

These prcHminary results are issued by iATL to expedite procedures by clients based upon the above data. iATL assumes that all of the sampling methods 
and data upon which these results are based, has been accurately supplied by the client. These results may not have been reviewed by the Laboratory Director. 
Final Certificate of Analysis will follow these preliminary results. The signed COA is to be considered the official results. All PPA, HUD, and NJDEP 
conditions apply. 


Celebrating 25 years...one sample at a time 
www.iati.tont 


lAFL 


-2- 















lATTL 

INTERNATIONAL 

Asbestos Testing Laboratories 


9000 Commerce Parkway Suite B 
Mt. Laurel, New Jersey 08054 
Telephone: 856-231-9449 
Email: customerservice@iatl.com 


CERTIFICATE OF ANALYSIS 


Client: 

YALE School 

Report Date: 

4/10/2017 


10-A Jennings Road 

Report No.: 

533651 - Lead Water 


Medford NJ 08055 

Project: 

C.R. 

Client: 

YALOOl 

Project No.: 

Yale C.R. 


LEAD WATER SAMPLE ANALYSIS SUMMARY 


Lab No.:6196750 Location :Rm 190 Result(ppb): 10.9 

Client No.:9 


Please refer to the Appendix of this report for further information regarding your analysis. 


Date Received: 
Date Analyzed: 

Signature: 

Analyst: 


4/6/2017 

04/10/2017 



Mark Stewart 




Frank E. Ehrenfeld, 111 
Laboratory Director 


Dated : 4/10/2017 7:08:59 PM 


Page 1 of 2 
















lATL 

INTERNATIONAL 

Asbestos Testing Laboratories 


9000 Commerce Parkway Suite B 
Mt. Laurel, New Jersey 08054 
Telephone: 856-231-9449 
Email: customerservice@iatl.com 


Client: YALE School 

10-A Jennings Road 
Medford NJ 08055 

Client: YALOOl 


CERTIFICATE OF ANAEYSIS 


Report Date: 
Report No.: 
Project: 
Project No.: 


4/10/2017 

533651 - Lead Water 
C.R. 

Yale C.R. 


Appendix to Analytical Report: 

Customer Contact: Scott Klenk 

Analysis: AAS-GF - ASTM D3559-08D, USEPA 40CFR 141.1 IB, 2010 

This appendix seeks to promote greater understanding of any observations, exceptions, special instructions, or circumstances that the laboratory needs to communicate to 
the client concerning the above samples. The information below is used to help promote your ability to make the most informed decisions for you and your customers. 
Please note the following points of contact for any questions you may have. 

lATL Customer Service: customerservice@iatl.com 
iATL OfflceManager: cdavis@iatl.com 
iATL Account Representative: Pete Lesniak 
Sample Login Notes: See Batch Sheet Attached 
Sample Matrix: Water 
Exceptions Noted: See Following Pages 

General Terms, Warrants, Limits, Qualifiers: 

General information about iATL capabilities and client/laboratory relationships and responsibilities are spelled out in iATL policies that are listed at www.iATL.com and 
in our Quality Assurance Manual per ISO 17025 standard requirements. The information therein is a representation of iATL definitions and policies for turnaround times, 
sample submittal, collection media, blank definitions, quantification issues and limit of detection, analytical methods and procedures, sub-contracting policies, results 
reporting options, fees, terms, and discounts, confidentiality, sample archival and disposal, and data interpretation. 

iATL warrants the test results to be of a precision normal for the type and methodology employed for each sample submitted. iATL disclaims any other warrants, 
expressed or implied, including warranty of fitness for a particular purpose and warranty of merchantability. iATL accepts no legal responsibility for the purpose for 
which the client uses test results. Any analytical work performed must be governed by our Standard Terms and Conditions. Prices, methods and detection limits may be 
changed without notification. Please contact your Customer Service Representative for the most current information. 

This confidential report relates only to those item(s) tested and does not represent an endorsement by NIST-NVLAP, AIHA LAP LLC, or any agency of local, state or 
province governments nor of any agency of the U.S. government. 

This report shall not be reproduced except in full, without written approval of the laboratory. 

Information Pertinent to this Report: 

Analysis by AAS Graphite Furnace: 

-ASTM D3559-08D, USEPA 40CFR 141.1 IB, 2010 

- USEPA 200.9Pb, AAS-GF, RL <2 ppb/sample 

- USEPA SW 846-7000B:7421 - Pb(AAS-GF, RL <2 ppb/sample) 

Certification: 

-NYS-DOHNo. 11021 
-NJDEPNo. 03863 

Regulatory limit for lead in drinking water is 15.0 parts per billion as cited in EPA 40 CFR 141.11 National Primary Drinking Water Regulations, Subpart B: Maximum 
contaminant levels for inorganic chemicals. 

All results are based on the samples as received at the lab. iATL assumes that appropriate sampling methods have been used and that the data upon which these results are 
based have been accurately supplied by the client. 

Sample results are not corrected for contamination by field or analytical blanks. 

PPB = Parts per billion. 1 pg/L = 1 ppb MDL = 0.24 PPB Reporting Limit (RL) = 2.0 PPB 

Disclaimers / Qualifiers: 

There may be some samples in this project that have a “NOTE:” associated with a sample result. We use added disclaimers or qualifiers to inform the client about 
something that requires further explanation. Here is a complete list with highlighted disclaimers pertinent to this project. For a full explanation of these and other 
disclaimers, please inquire at customerservice@iatl.com. 

Water Sample Turbidity greater than 1.0 NTU does not meet Federal and NJ State Primary & Secondary Drinking Water Standards. 


Dated : 4/10/2017 7:08:59 PM 
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